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"built by the Murray Iron Works, Burlington, Iowa, is shown in
Fig. 36. In this purifier the feed water supply from the pump or
tank is regulated by an automatic float valve which admits only as
much water as the boiler requires. The feed water first passes

FIG. 36.   WATER HEATER AND PURIFIER.
over a series of removable pans which take out such impurities as
will precipitate at a temperature of 212 degrees, such as lime and
magnesia, then to the settling chamber, where the oil and such im-
purities as come to the surface of boiling water are skimmed off;
thence to the pure water or pump suction chamber, through a series